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produce the necessary draft in the chimney. If cooled beyond this point it becomes necessary to install a forced draft and then its steam cost must be charged against the saving produced by the economizer,
In many installations economizers are installed in place of secondary and sometimes even in place of primary heaters, and in such case they obtain credit for savings due to other devices, but apparently they produce about the same increase in temperature regardless of the initial temperature of the water.